ff 


GAS SAFETY CERTIFICATE 


This form can be used as a Landlord’s gas safety certi 


ificate 


Engineer | | Contract Number UXO Landlords Details If Different 
Gas Safe C — | | Customer Name \e Name 
Engie ores Acres oD Site Address Cpe, 52 WOl\\S H,1,K PBS Address 12ne 
) ; ‘ 
\ \ Snofhierd Enter Company 
Postcode $i 224 Postcode ‘ Registration 
Received By Signature Rented Accommodation 3x0 Number 
Landlords Service Appliance Details 
appliance | Inspection | T = 
App} app! Location Type fo Model Serial Number Burner Manufacturer ‘ormor | 
fosemant GC. Ger, Sys Veissman SS kw 151671921 Vessnan CS 
Foxman oto TL | Geet, Syke Weisman 26 Kw 1S 1016% Veissmon es 
Kien own A [Gao W, Syskers | Weiss WGkw W6As Veiss Ma : Wes | 
KikW oer O. VR) Kw W643 es 
— 
General Safety Checks Result | General Safety Checks Result ee Ventilation 
fa Par aia operating coneaty °) aa Flue termination satisfactory (Yes/No/NA) Yes Low level free area cm or ventilation flow rate inlet mh Actual NA Roquired (Calculated) 
/ ! |’ 
- res mine cas Fein Tine diagram at +tes ed eee a ‘out from local vy High level free area cm? or ventilation flow rate extract mish Actual es Required (Calculated)__/W4 
js the meter installation correct (Yes/No) Is gas pipework electrically bonded (Yes/No) ‘A\| ventilation grills clear and unobstructed (Yes/No) Fans and/or flue interlocks operating correctly (Yes/No/NA) 
| ‘es Yes ! 
at pipework adequately supported) (| pecan vebeen ED | Details of any faults Remedial Action Taken Comments and calculations 
Gas Installation pipework sleaved and sealed as) “Are emergency vaive handles in place and 7 
appropriate (Yes/No) e> labelled (Yes/No) ep 
om Sofoupencedieriseremes!” tere, [ove fall to tha correct position (Yes/No) | (py ~ | 
Bienes in accordance with te ‘Area clear of combustible materials (Yes/No) | gs | ‘ 
; Appior ] App2or | AppSor | App4or Appia | App2or | Appsor | App4or Roper] App2or | Appsor | App tor 
Appliance Checks ‘App 4 High | App 1 Low App 2 High] App 2 Low ‘App 1 High| App 1 Low | App 2 High | App 2 Low __| App 1 High] Ape 1 Low App 2 High| App 2 Low 
Fiue flow test satisfactory (Yes/No/NA) T sas o> Ys _| 102 ora Pressure (mbar) orheat input kW/m} = A | wn Garbon Dioxide (CO;) (%) 6:2 (Sa) Va. 3 
= Gas burner pressure (mbar) or haat input KW/h =T" = hed % ai 
Spillage test satisfactory (Yes/No/NA} 5 “Ww Yes | Yes Yoo i ete al vy nO wa my Excess Ab (%) 20, a1 3\ a5 
‘AirGas switch operating correctly (Yes/NoINA) | Ypy Yoo o> Mps_| S88rating moasured (Wm / NA) w~ i, i) Nw NA CO/CO, Ratio 0000 |.0006 [0006 |,0OS7 
Flame proving devices operating correctly F 
nee ore rec Yes % | Yay ) Air/gas ratio control setting (96/NA) _| My Ai ” Ny i ra Gross Efficiency (%) Os OS as aR 
Burner look out time (seconds) 20 zo | 4Q [ico 1 la tempmeaiporriearted |i ee | SS |49 |e flue dilution (ppm) a wr | WN ir vy 
Te ture and limit the at ti : = ot 4 
Temperatiry and ermostats operating | yo. | . ‘te te Oxygen (0, %) 4% 15.6 |S$.0 |S. _|Strsramressure (moan z 74 | 24 24 
t t 
Heat net input rating data (kW) nN | ry wm Ny Carbon Monoxide (CO}(ppm) 65 s3 ss S17 Working pressure (mbar) 2) aN Qo 4a) 
= z ai, | 
fica No (if used) - Declaration of gas safety - | confirm that all of the above work describad on this form has been satistactorily 1s appliance safe for use (Yes/No) “es aa | ‘> ‘es Mor 
13658764 completed in accordance with the current Gas Safety (mstallation and use) regulations, standards and procedures Tas a warring advice notice been raised 
aaa I 3 16] ] (No or Warning notice Ser No or No’s} None 
Checked by (office use) ate 4114 F 
Test instrument 
ce ibe Anon _V 100 
Entered on database Signature Test Instrument serial number UCO0DE 1814 


Distribution: White - Customer, Yellow - Service Centre. Pink - Site, Green - Engineer 


C 


: Gas Safety Certificate - 


aU C-HS-F-002 


j Version No: 07 


Version Date: February 2015 


a a 
‘Security Classification: Unciassified 


